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8 MAR 1966 i 


MEMORANDUM FOR: Chiet, Real Estate and Construction 
Division, OL 


SUBJECT: Emergency Power at Headquarters Building 


l. As a result of the emergency power test held on 
23 January 1966, certain changes and additional connections 
to the emergency power circuitry have been recommended. 
Attachments A and B are those items noted by LSD personnel 
who participated in the test. Attachments C thru H were 
received from Agency components which participated in the 
test. They have submitted specific items to be included 
and changes to be made in their emergency circuitry. Your 
consideration and instructions of those changes to be made 
and those items to be added to the emergency power are 
requested. 


2. The present practice of blocking out the release 

on the 200 KW emergency generator has not proven satisfactory. 

A solution to this problem is solicited. The emergency power 

system does not provide uninterrupted power as required by 

certain Agency components, especially Communications. Cost 

estimates should be given to convert or change the 30 KW 
ILLEGIB and 200 KW frantic power generators as determined necessary 

to meet the requirements. 


ee en 


' 3. It is requested that a study be made on the entire 
eee Go power system with consideration given to all 
thoge items included nerein. 


i 
i 
j 
t 
i Chief, Logistics Services Division, 
i 


Attdchments : 
A: thru H 
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MEMORANDUM FOR: Chief, Operations Division 5 
. SUBJECT : CIA Computer Center Experience During the 
Emergency Power Test 


1. On Sunday, 23 January, all computer systems in the CIA 
Computer Center were successfully powered by the Agency's emergency 
power supply. The computer systems were actually on less than one 
hour but I feel this time was adequate to demonstrate that the 
center can operate on the emergency powex without any significant 
changes or modifications. 


2. Following is a chronological listing of the events that 
occurred during the test: 


Time Eyent 
0815 The control point for the test called and advised final 


approval had been given for the test and commercial powes 


would be turned off in about 30 minutes. 
0845 Commercial power went off. 
0922 Emergency power cameon, About 1/3 of the ceiling lights 


came on. In less than a minute the air handlers came 
on. The computers were not turned on because the under 


floor air temperature hadn't dropped to the normal cooling 


temperature. 


0938 The control point called and explained that the generators 
couldn't be synchronized and the test was being stopped in 


10 minutes and we would return to commercial power. In 


erder to see what power we had, every computer system was 
turned on. All came on except the 7090 and 7010 and they 


were coming up, but we didn't have time to let them come 
up all the way. 


0953 Power want off. 


ADMINISTRATIVE 
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-1000 Power back on. The same lights came on that were on at 

. 0922, The underfloor air was not being cooled, 

1010 I checked with the power room, Emergency power was on 
but the power for the Computer Center wasn't available 
yet, 

“Ieze ~ The control point notified me that the generators still 


weren't synchronized and that power was going off and a 
third attempt would be made to synchronize the generators, 


1028 Power went off, 
1035 — Power came on, 
1053 The control point notified me that the generators were 


synchronized and we could turn on the computers. The 
emergency power would be restricted to those on emergency 
lines until 1230 and then additional areas of the 
building would be supplied, 


1100 I called the power room and notified them our underfloor 
air was not being cooled. 


1115 The air was sufficiently cooled and the computers were 
turned on, 


The 7010 came up but we couldn't make a test run 
because of checks on both the reader/punch and printer, 
An engineer would be required to correct these. 


The 7090 came up. The tape test program ran successfully, 
The 360/30 came up and a tape was listed, 


STAT Thel __ Engineer ran diagnostics on the 301 and 50]. 
A blower fan in the power supply made quite a bit of 
noise several times as the fan was being started up 
or turned off. It was finally disconnected, A new 
blade will have to be installed, 


Power was turned on the ALP System and its 1401, 


Tape was plotted on the Calcomp Plotter. 


ADMIUISTRASTY 


r fiat 
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4. consider the test to have been successful and feel there 
wére excellent communications between the computer center and the 
control point during ‘the test. : 


ie 
Computer Branch 


ce: Admin Staff _ , . : : 


STAT [LO 


ae 
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Memorandum 


SIG-M 66-021 
TO : Chief, Logistics Services Division, OL DATE: 2 January 1966 


THRU : Director of Communications 
FROM : Chief, Signal Centers, OC 


“SUBJECT; Results of Testing of Emergency Power Facilities 
on 23 January 1966 


“ 


1. Although we thought that we had made arrangements to 
avoid any interruption of canmunications during the test of 
emergency power facilities schedule for 23 January, we did 
suffer a very long outage. 


a. At 0850, there was a power fluctuation which 
caused a loss of synchronization on four circuits. This 
was apparently caused by the change from commercial power 
to the 200 KW generator. 


b. Beginning at 0920 hours the 2000 KW generator was 
supplying power intermittently but did not interrupt 
communications because the 200 KW generator supplied 
power for essential circuitry. 


¢. At 1134 hours we lost ell power. We were out of 
communications with everyone until 1220 hours when 
commercial power was restored. We then began the time 
consuming process of re-establishing circuits. 


d. At 1335 hours, all circuits were restored and 
there was no further difficulty. 


2. Better provisions must be made for supplying emergency 
power for our critical camunications circuitry. It is 
recommended that further testz of the building emergency power 
system be delayed until we are assured that a dependable power 
source for the Signal Center is available. 


Distribution: 
Orig. & 1 - Addressee 
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4. 
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3 February 1966 


MEMORANDUM FOR: Chief, Logistics Services Division 


SUBJECT : Test of Emergeacy Power Facilities at 
Headquarters Building 
STAT REFERENCE > [dated 4 January 1966 


1. Attached are copies of reports submitted to me by two 
employees of the Office of Medical Services who were preseat 
during the Teat of Emergency Power. 


&. As will be noted the Office of Medical Services would be 
umable to operate: sost of the major medical equipment if it were 
necessary to rely on the present Emergency Power facilities. 


Chief, Suppoxt Division 
Office ef Medical Services 


Attachneat 
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-o Higat ay Dressing Rooms, 
Sone af our equipment operates in Main Laboratory ineludiug 


weray, ERG, Autonnalyzer, Eve Machine, Audiemcter, Dryer, 


Moacroseopus, Incubator, 


Wn fenan at 1040 
sheckh at 1120 by dos man 


- 


Sarrent off at 1220 


‘ost carspleted, Main source of 


Moray and Lao all back on, 


Hematology Lab, 


Peru gnowither buthroom, 


ont oT again at 10300"). 


eurrenk on at 1222, 
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iy Urtice Pot Nsdioa 1 Beévices ‘ 
«Acting Heglatoat, ‘oftifte of Mediiea Bérvices 
SUBJECT Jf Hectrjoat Pome Reerotas on 83 Joruary 1966 


: ab eae be ae 
F: 


l. As secetel, the Seo ey Sees ‘te the ortice of MeAical 
Services on 23 Jantiery 1966 to observe and determina the capabilities of 
the Office of Medical Services in the event of a commercial power failurs. 
This exercise ves pladned to en ren the the existing emergency generators 19 


= source of electrical L power ‘tor 8 Agenaten Continued operation. 


* 
‘ 
s aidiaatthctat at paren nie otalecianatmaninaiets de meaeieite 


2. The following ‘chronology and cbservasions vere mwades 
(2) Comercial power. era’ at o8h8. . 
(2) Emergency power initiated at 0922, (Overhead lights in 
& limited nwtbér returned at thia time but the Dievold a 
Power. Fila and Adgrassograph maching failed te master es 2. es, 
All. petelagentory, vere, without power). fae ae 
(3) Powar was. Lost goin at 0953. | 


(4) Power eaters at 0958. (Again limited as etated tn 
(2) above). = 


(5) Power’ ost aguin at 1028, 


| 
| 


(6) Powar robarned ab 1035. (Again limited as stated in, 
(a) above gt . 


STAT - (7) at Bret) reaete eee Allocations, Office | ne 
; of Logistics, that Tafrigeration of vaccines requiring froren | 
storage ehpeld be @ matter of scsienrn at ‘tiie time. Power 

peas for approximately 3h Nour's } . - ca x % 

“ (8) Bt nio vie overhead vintatpting aystes bean » Rencttonin. eee | 


Se te, : AY “fated at. “yais. ‘iaattea power returned at 1216. 
toe Ee |: ete wees pover, Analading Diebold Files, Addressograph 
ee Dip Se aS RES, Fearn, ete, returned, . 


1Q9Or 
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(20) at 1222 paceicet a tele 2 cn 
phone call from Space Allocations 
indicating that the Building was now back on commercial, 
power and that the exercise was over. 
COMMENTS s 


It is my opinion that the functions of the Office of Medica: , 
al Services 
would be sharply dont ay not ccoapletely inoperable in the event of 


commercial power : 


It was further noted that wall type battery. o) ) 
operated flood 1 
wera not available in any sections of the Office of Medical ma 


can Fy t f 
office of Medical Services 
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OSA -0533~66 
10 February 1966 


MEMORANDUM FOR: Chief, Logistics Services Division, OL 


SUBJECT: Emergency Power 


25X1 REFERENCE: ee 4 January 1966 - "Test of Emergenc’ 


Power Facilities at Headquarters Building" 


l. During the referenced test ot emergency power at 
Headquarters Building, the following deficiencies were noted 
by the Office of Special Activities, DD/S&T: 


Approved For Release 2003/04/29 : CIA-RDP84-00780R001200040032-2 


con eT 


“iS ciip  gh A e e)G < SAIFOIY  S A I 


vant 


idle al 


Approved For Release 2003/04/29 : CIA-RDP84-00780R001200040032-2 


SECRET 


C. Control Center - 6-~B-~12 


(1) Under auxiliary supply, no power was furnished 
to wall plugs in the vaulted area of 6--B-12 or to the 
console in the control room. To continue our operation, 
even under emergency conditions, minimum equipment 
necessary would be briefing aids, recorders, SSB radios, 
and at least one clock, i 


(2) Minimum power needed would be three wall plugs 
in the Control Center, one wall plug in the control 
room, and power furnished to the console in the control 
room, In addition, request power to two wall plugs in 
the other offices within 6-B-12 in order to operate two 
electric typewriters, 


(3) Approximately 35 minutes were required from 
power off to resumption of service from emergency source, 
Request installation of two standby lights, battery 
operated automatically activated on loss of normal 
electrical power, 


2. In order for OSA to continue with required 24-hour 
coverage of the mission, these discrepencies; must be corrected, 


5X1 


eputy Chie! 
Support Division. OSA 
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M&MORANDUM FOR: Chief, Logistics Services Division, OL 
VIA - > ASSA/LOG/DDS 
SUBJECT : . Emergency Power 

1. The emergency power test conducted on 23 January 1966 
revealed that the following areas of the Records Integration 
Division are not included in the Headquarters Building emer- 
gency power system. As these area's are critical in rendering 
essential services to the Clandestine Services it is requested 
that they be included in the Headquarters Building emergency 
power system, 

a) All equipment in Room GB-34 


b) Five (5) Teletype Machines and six (6) floor outlets 
in Roon 1B4004 


c) Two (2) electrical outlets in Room 1D-23 
d) All lights in Room GC-42 


e) Refrigerator, Air Conditioner and all floor outlets 
in Room GC-53 


f) Two (2) electrical outlets in Room 184003 (Upper-Level) 
g) Three (3) electrical outlets in Room GC-52 

h) Three (3) electrical outlets in Room 1D4107 

i) One (1) electrical outlet in Room 1D4124 


j) Twenty-one (21) electrical outlets in Room GA-10 


2. For exact locations and any additional information 
STAT please’contact[ | Room 14135, 


i1ef, M 


TC 
a5 


ADRESSTRATHE — ANTEREAL OSE ONLY 
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Please submit dreft notice 


by not later than 28 December 1965. 


e 
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